CAP AU BUSWAY RUNS 
-0" OF t 


WfTHtK 5'-'< 
-5 1 — 1 


■76th a. 



75th FL 


SECTION F-F 


PANEL LV-75E,- 
30 KVA XFMR 

PANEL DP-75E 


LOCAL CONTROL 
CABINET — ■ 


CR00N0 BUSWAY 
(TYPJCAl) SEE 
OETAS. OWC #E-tQ7 


MOTOR CONTROL CENTER 
MCC-75R 


■ TERMINAL CABINET 
ATS-75E 


-ATS-75ER 



Z 


H.V. pull BOX 
7'0"L x I6*W x iro 


($30) 

PART PLAN 75th Fi OOP 


SCALE IN rat 


£E=B2SU£ME 



Pf-BflC - 


(330) (33l) EXIST. COLLECTOR BUS 
REMOVED tN STAGE XE 


^■YWWYiftXflaad 


IL=2 



•76th FL 


75th FL. 


SECTION A-A 

(330^ 



76th FL 


75th FL 


SECTION R—R 


•EXISrc 5O0KVA 
PRIMARY DISCONNECT 
SWITCH (L-l) 


76th FL 



EXIST. 50OOA. COLLECTOR 
BUSWAY (AL) SEE DWG #E-5 
SECTION l X-X" -■■ 



REMOVE EXIST. 25O0A. (AL) 
& INSTALL 4000A (CU.) 

TO EXIST. 


BUSWAY CONNECT TO EXIST 

COLLECTOR BUSWAY 

76th FL 


EXIST. BUS TRANSmON BOX 
REMOVE EXIST. COVERS FOR 
ACCESS TO BUS VIA TEMP. 
BUS TRANSITION BOX 


EXIST. BUS 


EXIST. 1500 KVA 
TRANSFORMER 


75th FL 



76th FL 


_ !WG TO EXIST. 
TRANSITION BOX 


EXIST. 1500 KVA 
TRANSFORMER 

75th FL 


»»« 172 or 224 



wmmmmmmim 


ENGWEERWG PROGRAM 
WORLD TRADE CENTER 




engineer rr 


lee iag 


n . Hviiionk 


Dflpar mi it 


pmm*uhi 


section n-n 


TEMPORARY CONNECTION 
AT COLLECTOR BUSWAY 


SECTION d-ri 


■"H£ PARIiss. wNlRACT V/AS EXECUTED BY 


OttlNEE* OF DESIGN ^ 


NOTE: 

'* HI'S S** 3 ^ BOTH STAGE 31 AND HI 

4 - ^M^®^ * °* «-* 


Tftto 

tower one .and two 
low voltage 
substations 
construction and , 
installation; •< / 

electrical . v 

substation ss-75e . 

STAGE H AND JffV 
SWrrCHGEAR EQUIPMENT 
PLANS & SECTIONS 


No- OoU Rnfsbn 


^« ««*vwl to Port Authority «ntf 
rrt^r net bt BMd tritbout R» «rffiw c»««l 


LEAHY/ 

nsocR 


LEAHY 


Dots 5-1-45 


— ii^ 5 

Chtcfc* «y ? 


V/TC 802.071 E-8&, 


